UNIT CONSTRUCTION COSTS                                 1649
scount 9060.21—Foundation.
This covers the concrete in a reinforced wall about 60 ft. long, 8 in. at top, 18 in. at bottom and 16 ft. high; f-in. and f-in. rods were used for reinforcing. The concrete was machine mixed 5 sand and gravel to 1 cement and wheeled 75 ft. in barrows to place. One hundred per cent, of the vertical surface was formed.
:count 9060.22--—Cost and Erection.
This covers the cost of eight 163-bbl. steel oil tanks, with roofs and
ventilators, erected on their foundations.
icount £060.23—Piping.
This covers the material and labor cost for 785 ft. of piping, varying in size from 1 in. to 6 in. diameter. Here are also included the fittings and valves. The piping connects the tanks with the pumps.
:count 9060.40—Piping Excavation.
This includes all the trenching and backfilling incident to the oil lines from the 500,000-gaL oil tanks to the small 163-bbl. tanks. The trenches -were 2ft. wide and about 3 ft. deep on the average.
tcount 9060.41—Pipe and Laying.
This account covers the cost of the pipe enumerated below and the labor of laying it.
172 ft.  12-in. wrought-iron pipe
270 ft.  16-in. wrought-iron pipe 850 ft. 8-in. wrought-iron pipe 596 ft. 2i in. wrought-iron pipe
1,888 ft. total
A 16-in. line runs from oil sump to pump house, also from pump house to storage tanks. The 8-in. line runs from pump house to the 163-bbl. tanks. The 2|-in. line runs from the wilgus oil pumps to each of the reverberatories.
count 9060.5—Heating Installation.
This account covers the material noted below and the labor required to install the same. This 2J-in. steam line is tapped off the steam line at the power house, run under ground through conduit and is packed In asbestos fiber. At the other end the pipe connects with a, cast-iron oil heater.
1   cast-iron oil heater....................................     $303.82
1 No. 33 Crane tilt trap...............,.................        35.91
280 ft. 8-in. conduit......................................       547.49
Asbestos...............................................        29.00
2J-in.  pipe, fittings, etc  .................................       151.82
$1,068.04n diameter and 25 ft. high. (See Fig. 42.)4 ft by l| in..,.............................    14.05
